V—TQ SUBSTATION #SS-75W 
^ FOR CONTINUATION SEE 

DRAWViC #E-75 / "V SPUCE 

„— pull BOX #11 -< IN P.B. 

x . 1 


R-1-TfHP- 


EXISTING bUSWAY 
^AL. 



NOTE 


1. - FOR LEGEND SEE DWC. #E-l, FOR GENERAL NOTES 

AND ABBREVIATIONS SEE W #E-2™^ 

2. - FOR NUMBER ANC , SIZE lOF COMXXT ft WIRE SEE: 

1§~£ " CABLE SCHEDULE 

• DWG. lE-99 - A.T.S. CONNECTION OIAGRAU 

3. - SHUTTLE ELEVATORS #13. 15. 17. 19. 2t * 23 

CABLE AND BUSWAY DESCRIBED IN SCHEDULE 
STACE U STEP© SHALL BE INSTALLED PRIOR TO 
ENERGIZmC BUS §3 ft 4. 

ALL ELECTRICAL OUTAGES SHALL BE PERFORMED 
0UT5I0E NORMAL BUILDING OPERATING HOURS. SEE 

SSE&PS!? DMSWN 1 ENTITLED "CONDRIONSAND 
PRECAUTIONS* FOR DESCR!PTK)N OF ELECTRICAL 
POWER OUTAGE CATEGORIES. 


a* -176- or 224 



4. 


5. - 


TCramiOTHOMrTY 

GOTJ^ai&D 


i^ii* ^)^ 

ENCWEERMC PROGRAM 



• FOR COMPLETE STAGE H INSTALLATION SEE DWG #E-5 


* ^.b?* 05 SH0WN AS0VE B DESCRIBED IN THE 

5CHEDULE BELOW, 


RISER DIAGRAM 

STAGE H STEP® - DWG #E»5 


(SEE NOTE #4) 



SCHEDULE STAGE U STEP(D-T RANSFFr t o bus *s a 4 


CONDUIT 

DESIGNATION - SHUTTI F F LFVATOR^ - 

CONTROL FOR SHUTTLE Ar RANK 
COTE- # £z03. £=05. & £-j£ 

o. - INSTALL £ CDT 4 WIRE FROM SHUTTLE * BANK 
ELEVATOR TRANSFER SWITCHES, AS SHOWN ABOVE 

b. - CONNECT ALL CONTROL WIRES AS^SHOWN 
ON DWC. #E-M LEGEND - <&$>. 
J-=l NORMAL FFFOrR TO SHtfTTl FFIR/ V 

o. - INSTALL J~J CDT ft WIRE FROM SWGR, BUS #3 

TO TRANSFER SWITCH * 
b. - INSTALL COT. J^J, FROM TRANSFER SWITCH TO 
POiNT OF CONNECTION TO EXIST. COT. 
REMOVE EXIST. FDR (L-1) FROM PNL EL-B76S 
BACK TO EX/ST. SWGR. 

CUT EXIST. CDT. (L-1) ft REMOVE TO EXIST. SWGR, 
• - MAKE CONNECTION TO EXIST. COT. AND INSTALL 
FEEDER FROM TRANSFER SWITCH TO PANEL 
EL-B-76 VIA PULL BOX #13 (ENERGIZE) 
EME fiP. FEEDfR. TO SHUTTLE ELEV. 

0. - INSTALL B=2 COT & WIRE FROM TRANSFER SWITCH 
TO EXIST. PANEL #EPC-758. VIA P.8. #11. 
DISCONNECT EXIST, ft CONNECT FDR (B-2) AT 
PANEL (ENERGIZE) V ' 

DISCONNECT EXKT. 4 CONNECT CONTROL WIRING 
DCWiATED <(& ON DWG. #E-S8. 

?J^L°2?i ™? ( B " 2 J * CONTROL WIRES BACK 
TO EXIST. ELEV. TRANSFER SWITCH 

MOTOR CONTROL CENTER - UCC MF7SI 

O. - INSTALL 1=2 COT * WIRE FROM SWGR. BUS #4 
TO MCC-UE75L. 

b, - DISCONNECT EXIST. ft CONNECT FDR L-7 AT 
MCC-ME75L. (ENERGIZE) 

c. - REMOVE EXIST. FDR 4c COT. ksZ BACK TO SWGR. 


* * 

SEE 
NOTE- 
#3 


&=2 


-b, - 


1=2 


L-3-TEMP 208/120V. transf. ? m - r ss-7*h nyfi , 

°' ~ UJS*^ t-~3-TEWP. COT ft WIRE FROM SWGR. 

BUS #4 TO 500XVA TRANSFORMER VIA P.B. #14 
*~ b. - DISCONNECT EXIST. ft CONNECT FDR L— 3 —TEMP 
AT TRANSFORMER (ENERGIZE) * ' ™ r 

C. - REMOVE EXIST. FOR. L-3 BACK TO SWGR. 
R-1" T EMP 208/1 20V. TRANSF. gLE C gfW T 77-Q9nrf n^ , 


LOAD OUTAGES - SFF WYTf Jfi 

* - CATEGORY "A" OR "£f 
* * - CATEGORY - C* 


■b. - 


INSTALL R-l-TFMP COT 4* WIRE FROM SWGR. 
BUS #3 TG 500XVA TRANSFORMER VIA P.B. #14 
DISCONNECT EXIST. ft CONNECT FDR R— 1— TEMP 
AT TRANSFORMER <ENET<GIZE) 
REMOVE EXIST. fOR. R-l BACK TO SWGR. 


48Q/277V. EIFC CI OS Mth ir, 7 *»h r, R ^ 


FUTURE RUN 


... 66th FL S'$ 


b. - 


^ii- BUSWAY l^.Jb FROM SWGR. BUS #3 TO 
END CAP 4 "T* TO EXIST BUSWAY L-4. 
REMOVE EXISTING GUSWAY L-4 TO EXIST. SWGR. 
REMOVE BACK TO FJCIST. SWGR. 
c - INSTALL BUSWAY TRANSITION BOX ON EXIST. L-4 
BUSWAY ft CONNE',7 BUSWAY L-4b. (ENERGIZE) 
■ WQ/277V . EIFC CAPS T F-JniRF btw. t o 74ih n»-s 
o. - INSTALL BUSWAY Lzia FROM SWGR. BUS #4 TO END CAP 
208/12.PV, TRA NS Fi Hj^C LOS 't? 59-74ih np-* 
SEE DIAGRAM STAGE IE STEP (j) , DWG. #E-9t 

a. - INSTALL 

TO P.B. #16." 

*~— b. - WSCOTNECT ^TEMPOWRY * CONNECT FDR E^L2 IN 
f.tJ. |16. (ENERGIZE) 
c. - REMOVE TEMPORARY FDR (R-17-TEWP) BACK TO SWGR. 


L=Aa 


1=2 


■ jH 7 COT & WIRE FROM SWGR. BUS #3 


R-15 £Bi££Q 

O. - INSTALL R-1ff CDT ft WIRE FROM SWGR. BUS #4 
TO P.8. #16. 

* b. - DISCONNECT TEMPORARY ft CONNECT FDR R-16 IN 

P.B. #16. (ENERGIZE) 

c. - REMOVE TEMPORARY FDR (R-16-TEMP) BACK TO SWGR, 
.3=4. FUJI BANK - SEE DWG E-5 STEP O 

O. - INSTALL i=i CDT ft WIRE FROM SWGR. BUS #3 
TO P.B. 7lS. 

% b. - DISCONNECT TEMPORARY ft CONNECT FDR 3-4 IN 

P.8. #16. (ENERGIZE) 
c. - REMOVE TEMPORARY FDR (FUJI-TEMP) BACK TO SWGR. 
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